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GENERAL 


COMPLETE INSTALLATION TO COMPLY With ALL STATE ¢ LOCAL CODES, 
THESE «SCHEMATIC DRAWINGS ARE NOT INTENDED TO SHOW ALL SPECIFIC 


MOT Ee. 


CONDITIONS REQUIRED BY CODE. DIAGRAMS flo DRAWN SHOW WHAT 


16 RBEQUIRED AND NOT SPECIFICALLY HOW TO pipe IT. 


PROVIDE VALLES @ EACH FIYTORE , IN ADDITION TO BRANCH VALUES 
EQn\\own, : 

NEREY ALL =DIMENSIDNS CONDITIONS IN FIELD. 

EXISTING », WASTE, HoT WATER, ANO COLD WATER SERVED A 
TOILET .ROOM ON THE 282 STORET WHICH WAS ABANOCNED IN 
THE PAST . THERE Re NO EXISTING ACTIVE FIXTURES, ALL 
FNJORES TO BE USED ARE NEW, 

WASTE & LENT PIPING TO BE PV@ SCHEDOLE HO, PROVIDE 
EXPAVSION COMMECTIONS Ab REQUIRED BY COE | 

Hor % GOLD WATER PIPING; TO BE COPPER TUBE, TYPE aes 


WASTE, HOT AND COLD PIPINe» TO BE INSOLATED, 


WATEI2Z CLOSETS (HANDICAPPED) TO BE, KOHLER VITREOLS CHINA 
SIPHON AET CLOoeT HIGHLINE Ke 2518 -EBTU ELONGATED BOwL 
WITH Ziq" PASSAGE WAY , K 4470-5 SOLID PLASTIC CPEN FRONT 
SEAT WITH SELF -SODSTAINING HINGE (OR Faure). 

LAS. (HANDICAPPED) To BE KOHLER VITREOUS CHINA OHELF 
LAVATORY JONEAUD K- 142% WITH DOWNWARD EYTENDED BACK 
WITH DONCH ING Foe THE BCTTON SECTION OF THE BACK To RE 
FASTENED TO WALL With BOLTS. PROVIDE A 3x 2H YVR’ THICK 
MILO STEEL AwcHoR PLATE WITH Wy" STUD Borts. (OR EQUAL). 
FOR FOLL PLANS, + FOR MEz2. AND ZN STOREY PLAns, CEE 
QORUWITECTURAL DRAWINGS. 
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SCALE 1: NONE 


(20% INDICATES FIXTURE ONITS 
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PARTIAL FIReT STOREY PLAN 


FoR FULL PLAN SEE ARCHITECTURAL SHEET A-2 . 
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